Margaret P. Grafeld Declassified/Released US Department of State EO Systematic Review 22 May 2009 

Message Text 

LIMITED OFFICIAL USE 

PAGE 01 NAIROB 06882 03 1239Z 
ACTION SY-05 

INFO OCT-01 ISO-OO AF-10 /016W 

031240Z 053162/53 

PR031110ZJUN77 
FM AMEMBASSY NAIROBI 
TO SECSTATE WASHDC PRIORITY 8677 
INFO AMCONSUL FRANKFURT 


LIMITED OFFICIAL USE NAIROBI 6882 

DEPARTMENT FOR A/SY/OPS/T 
FRANKFURT FOR OIC/RTC 
FROM OIC/RTC 

E. O. 11652: N/A 
TAGS: ASEC 

SUBJ: TRANE AIR CONDITIONER 

REF: STATE 115879 

1 . CONFUSION EXISTS HERE RELATING TO POWER REQUIREMENTS FOR 
T-l POWER TRANSFORMER IN THE TRANE MODEL MAC 4-H 18-208- 1201- 
03 AIR CONDITIONER. 

2. IT APPEARS THAT T-l IS DERIVING ITS POWER (115 VAC) FROM 
FROUND TO LINE RATHER THAN LINE TO LINE. BELIEVE US POWER 
FOR 208 VAC OPERATION USES 208 VAC LINE TO LINE AND 1 15 VAC 
LINE TO GROUND. POWER IN OUR AREA IS 220VAC LINE TO GROUND 
AND LINE TO LINE. 

3. IF THIS ASSUMPTION IS TRUE THEN EACH TRANE AIR CONDITIONER 
MUST BE MODIFIED PRIOR TO INSTALLATION. 

4. AFTER LOOKING AT THE INSIDE OF THE AIR CONDITIONER UNIT 
ANY STEP DOWN TRANSFORMER MUST BE VERY SMALL IN SIZE DUE TO 
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THE CONFINED AREA CAUSED BY THE CONTROL MODULE/JUNCTION BOX 
ASSEMBLY. 

5. WOULD IT BE BETTER TO INSTALL A STANCOR P-8618, 115-230/ 

24V AT 4 AMP TRANSFORMER RATHER THAN THE DOUBLE TRANSFORMER 
ARRANGEMENT? AT THE PRESENT TIME THE LILONGWE SYSTEM IS 
OPERATING TEMPORARILY USING A STANCOR P-8617 1 15-230/240V 
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AT 2 AMPS. 

6. PLEASE ADVISE. 

DECON 6/3/78. 

LINDSTROM 
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NNN 
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